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TO BE FURNISHED AND INSTALLED. 
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CIRCUIT DESIGNATION CABLE TAG 
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WfTHIN r FROM CABLE END. 
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INDICATES TERMINAL BLOCK NUMBER. 
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- FOR CABLE RUN TO TSC-FA 

- FOR CABLE RUN TO T5C-FB 

- FOR GABLE RUB TO TSC-FC 

- FOR CABLE WJH TO TSC-FD 
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INDICATES CABLE PAIR NUMBER. 
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49-56 - FOR SPEAKER CIRCUIT 

TERMINAL BLOCK NUMBERING TAG, ADDITIONAL MARKINGS ARE FOR 
INFORMATION ONLY. 
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INSULATED CONDUCTOR (RED). 
INSULATED CONDUCTOR (BLACK). 

UNINSULATED DRAIN WIRE, 
TERMINATED OR CONTINUED 
TO NEXT DEVICE. 


INSTALL CLEAR SHRINK TUBE. 


1. FOR LEGEND, ABBREVIATIONS & GENERAL NOTES, SEE DWG E-1. 

2. ALL SHIELDS MIST BE ISOLATED FROM GROUND. APPROVED "SHRINK" 
TUBING SHALL BE USED ON ALL DRAIN CONDUCTORS. SEE TYPICAL 
SHIELD/DRAIN INSULATING METHOD "A* ON THIS DWG. 

3. ALL WIRING SHALL BE FREE OF GROUND FAULTS, OPENS. SHORTS 
k STRAY VOLTAGES. 

4. ALL WORK SHALL BE DONE IN THE PRESENCE OF THE ENGINEER. 

5. TSC-FB WAS FORMALLY CALLED TSC-FA SEE £-07-3. 
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